)1 




IlMllliill^ 


. i- 


SPEAKER CIRCUIT SCHEDULE 


cstcurr 

DESIGN. 


LOAD 
WATTS 


10 


TOTAL SPEAKER LOAD t 


AREA SERVED 


SPEAKERS PER CffiCUfT 


CIRCUIT LENGTH (FT) 


REMARKS 


«ER1,MEft2 


TSC-U-NEB2 


•X" 


3 1/2 1 EUR FE-1 


TOTAL SPEAKER LOW) 


3* 


650 

650 


760 

760 














380 

360 

•-EXETWG 

















JDCATED K5WIC, 
tot FLOOR. INSIDE UER1 


TSC-nA-KE3 


TOTAL SPEAKER li 


1 » 

{see note eaow) 


120FT IS THE DISTANCE BETWEEN FA CLOSET FC-NE-? AND TSC-FtA 



TOTAL SPEAKER LOAD 
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NOTES: 

1. FOR LEGEND, ABBREVIATIONS & 
GENERAL NOTES. SEE OWG E-1. 


TRANSPONDER 

TSC OR PAD 
DESIGNATION 

ctRcurr 

NUMBER 

LOAD 
amps 


15cd 

15/75cd 

30cd 75cd 

; CIRCUIT LENGTH (FT) 

0.063 


0.100 0.165 


TSC TO 

TOTAL 

FC-NEB1 

LOCATED IN FIRE 
ALARM CLOSET, 
81 LEVEL, 5 WTC 
NEAR MERi 

+ . . 

TSC-M-NE81 



UER1 

: 1 




350 

3Sy 


0.800 

UER1 



g 1 - 

340 

340 

PAD-M-1 

"cr 

0.82* 

UER2 

2 


7 r- ■ 

450 1 450 

-Gsr 

0.600 

UER1 



6 .(.-'■- 

330 1 330 

PAD-M-2 

"HI" 

0.700 

UER1 ■ 



7 1 - 

370 1 370 


0.726 

SUBSTATION 

2 


6 1 - 

330 1 330 

TOTAL STROBE LOAD 

4.715 



STROBE CIRCUIT SCHEDULE 


E£=fclEB2 


LOCATED IN FIRE 
ALARM CLOSET, 
82 LEVEL, 5 WTC 


TSC-M-NE82 


TOTAL STROBE LOAD 


0.063 


m. 


OCATEO IN 5 VfTC, 
3rd FLOOR, INSIDE MER1 


TSC-F1A-NE3 


TOTAL STROBE LOAD 


0.200 


0.200 


UER 


100 


22C 


120 

'(SEE NOTE 8a( 


NOTE: 

120FT IS THE DISTANCE BETWEEN FA CLOSET FC-NE-? AND TSC-F1A 


r C-N£9 


LOCATED IN 5 WTC, FIRS' 
ALARM CLOSET, 9th FL 
STAIRWAY "D" 


TSC-M-NE9 

A .. 

0.500 

9th FLOOR UER 



5 

"Bf 

0.763 

9th FLOOR UER 

1 


7 < 

•ff 

0.400 

9th aOOR MER 

Ml 


4 : - 

"0* 


10+h FLOOR EURO'S 

1 


5 : 

"C* 


9th aOOR MER-PAD-2 TRIGGER CKT 




■H" 


9th FLOOR MER-PAD-2 TRIGGER CKT 






* 



t 

PAO-M-1 

"Gl" 

0.763 

9th FLOOR MER 

1 



"C2* 

0.826 

9th FLOOR MER 

2 



PAD-M-2 

"HI* 

0.700 

9th FLOOR m 



7 1 

■■H2* 

0:$65'" 

9th FLOOR MER 



4 i J | 

fCTAL STROBE LOAD 

5.08 



150 


ISO 


1 220 

£ 220 

1 380 

i 360 

400 

! 400 

1 336 

i &6 


HORN CIRCUIT SCHEDULE 

TRANSPONDER 


LOCATED IN FIRE 
ALARM CLOSET, 
B1 LEVEL, 5 WTC 
NEAR MER1 


TSC OR PAD 
DESIGNATION 


PAD-M-1 


PAO-M-2 


CiRCUrT 
NUMBER 


-G4- 


"H4" 


TOTAL HORN LOAD 


LOAD 
cmpi 


AREA SERVED 


1.2 IB 1 LEVEL MER1 


IB1 LEVEL MER! 


B1 LEVEL UER1 


81 LEVEL MER1, SUBSTATION 


4.8 I 


H0RN(S) PER CIRCUIT 


SEA-3 


CIRCUIT LENGTH (FT) 


YIWJSPONDEfc'71 s arTO~ 

u U&k- 


TOTAL 


330 


1 


250 


280 


270 


270 


LOCATED IN 5 WTC, FIRE 
ALARM CLOSET, 9th FL. 
STAIRWAY "0" 


PAO-M-1 


PAO-W-2 


TOTAL HORii LOAD 


"G4* 


'H3* 


t9th FLOOR UER 


[9th FLOOR MER 


!9lh FLOOR MER 


!9lh aOOR UER 


400 


400 


I 240 

240 

t 300 

300 


230 


230 


IHEREBYCOWYTHATTHtSISATRUEAND 
CORRECT COPY OF ONE OF 1HE CONTRACT 

CONTRACT NOWTc^J^?/ IN 
THE FORM tN VftflCH SAID DRAWINGS 
EXISTED AT THE TIME THE SA© CONTRACT 
WAS EXECUTED BY THE 


DATE 
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Sh«»t 35 


mmsm 


innirfliniMm 



No- Dot* Revision 

I 


GtNl BRING OEPARTMt 


W3R.D 


TRAEjE 


CENTER 


L t 


ELECTRICAL 


Title 


FIRE ALARM SYSTEM 

PHASE lit 
5 WTC MER'S, EMR'S 
AND SUBSTATIONS 


STROBE, HORN 
AND SPEAKER 
CIRCUIT SCHEDULES 


Ttis ^ro«ni^ subject to cortd&ors n Cc^jcc' ^ 
invention tftos. designs ocd fnctncCs ^e<e^ c*t 
reMfved to Port Authority end mo>' ;*? 
w&rout ft* written consent. 


FELDSTEIN 


R0Y2WAN 


Ocs^cnod 0/ Ofcwn by 
5-17-99 


Date 

V/TC-86 1.571 


Connect Njnrtbsr 


